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Compliance Test of Comtro Model A-35 Incinerator 


‘ 
ALL Appideable Federal Agencies Z 
1. We have received a veport prepared by an independent testing concern 
on the compliance test of the Comtro model A-35 incinerator manufectured by: 
Comtro Incorporatad ; 
. North Weles, Pennsylvania 19454 
i 
2. The test results shoved thet the incinerator is capable of mecting 
; the emission standards in the Code of Federal Regulations (litle 42 CER 
part 76) while burning Public Health Service standard waste (similar to 
Type 1) at a rate of 550 pounds per hour and when utilizing a mechanical 
loader, 


3. Besed upon similar design parameters it is believed the models A-25 
and 4-39 incinerators will meat Federal emission limits while burning waste 
of the type and capeciti 
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All models shell have nameplates which reflect the capacitics Listed in 
the above table. . . 


It should be noted that the two larger sizec units should be equipped with 
mechanical loaders in order to realive the stated burning rates. 
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